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SUBJECT:SAFETY INSPECTION OF NAURUAN VESSEL, ENNA G 

1 . POST IS REQUESTED TO DELIVER THE FOLLOWING DIPLOMATIC 
NOTE TO NAURUAN GOVERNMENT; 

QUOTE: 

THE DEPARTMENT OF STATE TRANSMITS TO THE GOVERNMENT OF 
NAURU THE ESSENTIAL FINDINGS OF A RECENT UNITED STATES 
COAST GUARD SAFETY INSPECTION OF THE NAURUAN PASSENGER 
VESSEL, ENNA G, AND WISHES TO EXPRESS THE CONCERN OF THE 
UNITED STATES GOVERNMENT OVER BOTH THE NUMBER AND MAGNI- 
TUDE OF DEFICIENCIES NOTED. THE INSPECTION OCCURRED IN 
MAY OF THIS YEAR IN SAN FRANCISCO, CALIFORNIA. 

THE VESSEL IN QUESTION CARRIED ON BOARD A SAFETY CERTIFI- 
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CATE OF THE INTERNATIONAL CONVENTION ON SAFETY OF LIFE 
AT SEA, 1960, WITH AN ENDORSEMENT OF COMPLIANCE WITH 
THE 1966 FIRE SAFETY AMENDMENTS. THE CERTIFICATE, DATED 
APRIL 10, 1977, WAS ISSUED BY LLOYD'S REGISTER OF SHIPPING, 

THE DESIGNATED INSPECTION AUTHORITY FOR THE GOVERNMENT OF 
NAURU. 
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THE INSPECTION REVEALED DISCREPANCIES FROM SAFETY 
STANDARDS IN A NUMBER OF AREAS, NINE OF WHICH WERE 
MENTIONED IN A COAST GUARD REPORT TO THE DEPARTMENT 
OF STATE, AND WHICH ARE LISTED HERE: 

A) INOPERATIVE BILGE SYSTEM WHICH FAILED TO PUMP FROM 
ANY CARGO HOLD; 

B) NUMEROUS INOPERATIVE FIRE DOORS; 

C) SEVERAL INOPERATIVE FIRE FLAPS OR DAMPERS; 

D) NO EMERGENCY INSTRUCTIONS IN CABINS; 

E) APPROXIMATELY 50 PERCENT INOPERATIVE GENERAL ALARMS 
(CLAXONS); 

F) DISAGREEMENT OF FIRE CONTROL, DAMAGE CONTROL, AND 
LIFE SAVING PLANS WITH THE VESSEL LAYOUT ITSELF; 

G) DIFFERENCES OF UP TO 9 PERCENT BETWEEN THE ACTUAL 
RUDDER POSITION AND THE POSITION SHOWN BY THE BRIDGE 
RUDDER ANGLE INDICATOR; 

H) FAILURE OF THE MAIN GALLEY TO POSSESS A COMPLETE 
A - O BOUNDARY, AS REQUIRED; 
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I) FIRE ZONE CORRIDOR OVERHEADS NOT FITTED WITH THE 
REQUIRED DRAFT STOPS. 

IT WILL BE NOTED THAT ALL DISCREPANCIES BUT (I) WERE 
DULY CORRECTED SUBSEQUENT TO THE INSPECTION. IN LIEU 
OF THE REQUIRED DRAFT STOPS IN THE AFFECTED CORRIDOR 
OVERHEADS, THE OVERHEAD PANELS ARE INSTEAD FITTED WITH 
A LOCK WHICH AFFORDS ACCESS TO THE SPACE BETWEEN THE 
CEILING AND THE NEXT DECK. BECAUSE OF THIS PROVISION, 
LLOYD S CERTIFIED THE VESSEL’S COMPLIANCE, 

IT IS REQUESTED THAT THIS NOTE BE FORWARDED TO THE 
RESPONSIBLE NAURUAN AUTHORITIES FOR APPROPRIATE ACTION. 
IT IS FURTHER REQUESTED THAT IN THE GOVERNMENT OF 
NAURU'S RESPONSE TO THE DEPARTMENT OF STATE, THESE 
AUTHORITIES CLARIFY THE SPECIFIC MERITS OF THE EQUIVA- 
LENCY AND ACCEPTABILITY OF THE MEASURES USED ABOARD THE 
ENNA G (E.G., DROP CEILING PANELS FITTED WITH LOCKS) 

IN LIEU OF THE NORMALLY-REQUIRED DRAFT STOPS NOTED 
IN (I) ABOVE. 
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